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1. INTRODUCTION 

Recently, as wind power has become a green and sustainable power, its dissemination in the power 
system (PS) has increased significantly and is expected to rise in the future [1]-[4]. The growing integration of 
wind turbines (WTs) raised the interest in studying the impact of integrated wind units on the static and dynamic 
performance of the PS. This impact of WTs integration is not generic and can be positive or negative depending 
on the wind generating system type and load profile [2]. 

The small WTs operating with a stand-alone doubly fed induction generator (DFIG) and RL load are 
expected to grow steadily in the coming years. There is no specific definition of small-scale WTs. This paper 
assumes the capacity of small WTs to be from about 1 kW to 100 kW, with a generation voltage level of less 
than 1kV [5]. The speed at which WTs operate is usually fixed or variable, although the variable-speed 
operation is preferred. The main advantage of a system operating at a fixed speed is the ability to connect it to 
the grid directly without the need for additional control and power electronic processors or converters. 
Variable-speed wind turbines VSWT systems can generate more electrical energy from a large wind speed 
(WS) range system while reducing the pressure in the driving system. The efficiency of the electrical energy 


Journal homepage: http://ijpeds.iaescore.com 


Int J Pow Elec & Dri Syst ISSN: 2088-8694 O 1655 


produced can also be improved by using special power electronic techniques to control the speed of these 
turbines [6]. The DFIG-based wind PS consists, of a controlled IG fed by energy from both sides, from the 
rotor and stator circuits, and a power electronics frequency converter with a DC-link, in addition to the 
excitation system and a VSWT. 

In this paper, the VSWT equipped with a stand-alone DFIG feeding an isolated RL load through a 
long cable is studied. The IG is excited by the fixed capacitor at the stator terminals, but the rotor terminals are 
connected to the RL load via a MLFC to maintain a constant voltage at the DC-link and load, simultaneously. 
Additionally, this paper covers the influence of cable length on system performance. It is well known that by 
increasing the length of the cable, its impedance will increase. Such an increment will influence the mismatch 
between the load impedance and characteristic impedance of the cable. In its turn, the mismatching will create 
voltage-current drips and reflection waves that resonate with the whole system at frequencies determined by 
the cable's length and propagation speed constant. These reflection waves (standing waves) are studied through 
simulation only. The simulation results showed that using pulse width modulation PWM multi-level frequency 
converter MLFC can prevent the destruction of the load and insulation of the cable, compared to conventional 
frequency converters. It is difficult, to design and simulate a unified control model for the whole VS WT system, 
which effectively reflects the performance characteristics of a such complicated system [7]. Therefore, this 
paper mainly focuses on the modeling of such a complicated system. 

The MLFC system discussed in this article is a three-phase, three-level voltage source inverter 
connected to a rectifier with a DC-link in between. This MLFC provides an alternative to the traditional 
converter to decrease (or even avoid) the quantities of series-connected semiconductor switches. In the three- 
level MLFC, each switching unit must withstand the half value of the DC-link voltage. Therefore, the three- 
level MLFC can ensure a three-phase voltage source with a lesser degree of distortion harmonics compared to 
the analogous two-level frequency converter [8]-[10]. 

Since the load is highly inductive with also large capacitances of the cables, fluxes could be generated 
by both windings of the generator, stator, and rotor windings. Therefore, if the generator is running at nearly 
synchronous speed, the rotor voltage is minimal, and the torque developed by the generator may be very high 
due to the induction-ness of the system. However, if the rotor voltage is adjusted to be nearly equal to that of 
the stator circuit, then the IG torque would be very small. On the other side, the control of the IG torque could 
also allow the control of the generator power [11], [12]. 

The output power of the WT depends strongly on the rotational speed of the turbine, the WS, and the 
pitch angle of the inclination of the blades in a non-linear manner. Therefore, the control unit is designed to 
adjust the speed and the turbine torque accordingly. Therefore, this paper is focused on the modeling and 
simulation of the IG torque using the MLFC control system. In addition to the behavior of the output power, 
the control of the DC-link voltage using PI regulators and a chopper circuit is also discussed. These control 
processes are independently treated as their control circuits are technically and physically separated [12]-[14]. 


2. VARIABLE SPEED WT SYSTEMS 
The primary application of wind turbines is to convert wind energy to electrical energy. The extraction 
power is given by (1). 


P= =p Ave (1) 


Where, A is the swept area, [m7]; V is the wind speed, [m/s]; and p is the air density, [kg / m°]. The (1) describes 
the total power that can be extracted from a WT, which is limited to maximum theoretical efficiency. This 
limitation in power quantity is based on Betz's law stating that the maximum performance factor or the power 
coefficient of the wind turbine Cp of a WT is 59.3%. By defining the input and output variables of a WT, 
expressions of the relationships between the input and output variables can be easily obtained. Therefore, the 
principle of operation of a WT can be described using the mechanical power extracted from the turbine, as in 
(2) [15]-[20]. 


P == p AV? Cp(A,B) (2) 


Where £ is the pitch angle of the blade and 4 is the tip-speed ratio. 
The output torque of the WT model is determined depending on the WS. Hence, the coefficient of 
power, Cp is a non-linear function of J and /. This allows the tip-speed ratio to be formulated as in (3). 


Y Otur Y Wtur 
Atur = v > V= Fi (3) 
tur 
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Where Wty; is the optimal turbine angular velocity, [rad/sec] that corresponds toA;,,,. Substituting the value 
of V in (2), then the turbine power is obtained by (4). 


1 Ur 
Puy = 5 pA (=n: Cp(max) =k Wur (4) 


2 Atur 


Dividing in (4) by the WT angular velocity w;,,, then the turbine torque is obtained by (5). 


1 
Trur = 2 P A Ga WfurCp(max) =k Wur (5) 


Where k = 5 pA Go’ is constant. The (4) and (5) indicate that the maximum extractable turbine power is 
tur 


directly proportional to the cubic WS, and the turbine torque is proportional to the square WS [14]-[16]. The 
(2) shows that the WT power depends on two terms. The former, p A V?, is directly proportional to the cube 


of the WS, while the latter, C, (A, £), is a variable quantity. The first term is unpredictable. However, the second 
term C, (A, F), can be controlled by changing the values of w/and or £. The power coefficient C, (A, f) of the 
turbine can be obtained by (6). 


Cp (A, B) = Li j=1..44 BT (6) 


The power coefficient Cp (A, £) is very important since it provides accurate data on the aerodynamic efficiency 
of the WTs system. Figure 1 shows the nonlinear relationships between Cp and the tip-speed ratio à which 
results in an exponential increase in Cp and reaches its maximum value. After that, the increase in the tip-speed 
ratio (A) leads to a decrease in the Cp. Meanwhile, if the output power of WT is less than the nominal value, B 
is set to be zero for most WT systems. 

Hence, increasing f results in a significant decrease in Cp and the WT power capacity, so it is 
effectively adjusted to reduce the WT output power when it exceeds the nominal value, or it is set to its 
maximum value, 90° to stop the power generation under high WS conditions. The difference between the fixed- 
speed WT system and its counterpart of variable speed can be described based on the coefficient of power 
C, (A). In the fixed-speed WT system, À can't be regulated because the speed (œw) is uncontrollable. So that, 
control of the Cp indeed results in the control of the angular velocity (œ) and pitch angle (P) [9], [14]. 


4 as 8 10 12 


Figure 1. A plot of Cp versus à 


3. POSSIBLE MODEL CONTROL TECHNIQUES FOR A STAND-ALONE DFIG-BASED VSWT 
WITH AN RL LOAD. 

There are two possible circuit configurations that could be used between DFIG and the isolated RL 
load. The former interfacing circuit connection between them may be implemented using two back-to-back 
PWM converters connected between the rotor and the load. The later configuration that could be operated 
effectively for the DFIG with an isolated RL load is to connect the load to the DFIG stator via a three-phase 
MLFC and a three-phase rectifier [12], [17]-[20]. The former is usually used as an ultimate solution, but it 
requires additional power devices that increase the cost and complexity of the system. The alternative solution 
adopted in this paper is the use of a diode-clamped three-level three-phase voltage source inverter installed 
with three neutral levels [5]. It is known that the same control and modulation circuit described for the DFIG 
with the two-level back-to-back frequency converter can be applied for the three-level MLFC. The only 
difference is that the three-level MLFC also needs an equalizing scheme for the DC-voltage power outlet as 
discussed in [5], [8]. 
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3.1. MLFC model with uncontrolled DC-link voltage power port 

Figure 2 shows the control block diagram of a VSWT system. The main goal is to control the IG 
torque and flux in order to regulate the apparent (active/reactive) power that the MLFC exchanges with the RL 
load. In this paper, the MLFC, DC side is considered to be connected to the RL load through a three-phase 
diode rectifier representing an ideal DC voltage source. 


Flux/torque controller | 
T refipu) Limiter 


Figure 2. A schematic diagram of the DFIG-based VSWT shows the generator torque-command 
generator and the uncontrolled DC-link power 


As previously discussed, to increase the turbine power capacity, the torque of the system should be 
controlled in rate to the square of the rotor speed according to (5). This is formulated by means of the torque 
reference instruction "Terep" shown in Figure 2. Due to the inertia of the wind PS, the rotor speed changes 
slowly even if the WS is subjected to high fluctuations, and at the same time, the torque response to these 
changes in speed is very fast. Therefore, the IG torque exactly follows its reference value, and the ideal 
operating point with the IG's equilibrium condition is tightly and easily reached [5]-[17]. 

Note, that the induced voltage of the DFIG rotor is maximum when the rotor is blocked, and zero at 
synchronous speed, n,. Therefore, the choice of the DC-link voltage value and the generator windings turns 
ratio should consider the parameters of the IG and the permissible differences in the speed of the rotor. 

To ensure the IG is not dangerously overloaded in critical WS conditions, the IG torque known as per- 
unit torque is determined according to (4) and (5) and based on the implementation of the power optimization 
strategy. Thus, the wind turbine Piurçpu)» and Ttur(pu) are obtained by (7) and (8) respectively [16]-[19]. 


Papu) = kompu) o) 
Tmpu) = komo) (8) 


The MLFC-controlled circuit is shown in Figure 3 according to IG torque requirements, WS fluctuations, and 
DFIG parameters. 


3.2. Modelling of MLFC and the reflected wave process (RWP) of RL load 
3.2.1. Long cables “TL” model 

Figure 2 illustrates the stand-alone DFIG-based VSWT supplying an isolated three-phase RL load 
through a long cable and MLFC. The MLFC produces High-frequency PWM voltage with a "rising/falling" 
period which mostly occurs in the range of [10ns — 100ns] depending on the commutation instrument types, 
load circumstances, and gate drivers [20]. 

With a high slew rate (dv/dt), a long cable acts as a TL line even at a short length [20], [21]. Figure 
3 shows the RL load model with a lossless TL, where the MLFC is modeled as a PWM voltage source with an 
impedance Z, (generally, Z; ~ 0), and the load impedance Z,. As for the model, the characteristic impedance 
of the long cable Z, is obtained by (9). 


Re fz (9) 


Where Lo and C, are the distributed inductance and capacitance per unit [22]. 
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Figure 3. A common model for the DFIG - based wind PS feeding an RL with a long cable 


3.2.2. Fundamentals of the reflected voltage wave (RVW) 

In a speed-regulated drive, the PWM voltage pulses generated by the inverter voltage source travel 
along the cable in the same way as traveling waves travel along power lines, due to the mismatch between the long 
cable and the load impedances [23]-[25]. The propagation constant of the speed v is determined as in (10). 

1 


“= Mioto oe 


The propagation delay of the long cable t is obtained by (11) [22]. 


t = L/Lo Co (11) 


The RWP is represented by the bloc scheme demonstrated in Figure 4, where the cable is depicted by a block 
a e`"; that is, the incident RVW is detained by a time constant t when moving between the MLFC and load 
is attenuated by a coefficient a depending on the cable Lg and Co [26]. Referring to Figure 4, V* (s) and VŽ (s) 
are the voltages at MLF and the load terminal sides in the frequency domain, where x = (+) or (-); “+ is forward- 
propagation” whilst “- is backward-propagation”, n = 1,2,3 designates the n™ propagation cycle. 


Inverter side voltage . Cable , Load side voltage 
First incident 
voltage to load 


First reflected 
voltage from load 


Second incident 


vals) VHS) voltage to load 


Figure 4. A block-scheme of the RWP 


The Laplace transform of the voltage pulse U(s), v, generated by the MLFC voltage v,, reaches the 
load terminals after a time propagation delay t and then is reflected due to the impedance mismatch between 
the load and cable. The reflected voltage V; (s) and the incident voltage V;*, (s) are obtained by (12) and (13). 


Via(s) = GVA (s) (12) 
Vi (s) = U(s)e™™ (13) 


Where I; is the constant of the reflection at the RL load side is obtained by (14) [22]. 


nae ZL—Zo 
~ ZL+Zo 


I (14) 


In the system, the typical value of the load impedance Z, is much more than that of the cable Z,, therefore the 
reflection factor I; is closely limited to a unity. Be aware that 7, = 1 means the reflected voltage from the RL 
load-side cable terminal. After another time propagation delay T, V;;(s) reaches the MLFC terminals, another 
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reflection waves occurs due to the mismatch between the MLFC and the cable impedances. The occurrence 
voltage V$ (s) and its RVW, V5 (s) are expressed by (15) and (16). 


Vei2s) = Vii(sje** (15) 
Via (s) = IVi (s) (16) 
Where, I; is the constant of the reflection at the inverter side is obtained by (17) [22]. 


— Zs—-Zo 
S 7542 
S o 


(7) 


“4? 


Since Zo ~ 0, I; is close to the . Notice that 75 = —1 indicates that the voltage is completely reflected at 
the inverter terminals. The RWPs continue in the same way until the load terminal voltage is mitigated to the 
DC-link voltage level Vac. By adding up the incident and RVWs at the load terminals, the load terminal voltage, 
V, (s) can be expressed by (18) [22]. 


_ U(S)(1+rs)e TS 


Vs) = — ar (18) 


1-I;T, 
Figure 5 illustrates the MATLAB simulation results of a voltage waveform, where the time rising is 20 ns. 


3.2.3. Rising/falling time impact on the RWP 

In the MLFC system, in add-on to the mismatching between the TL and load impedances, the rising 
and falling time (t, / tr) of the output voltage is a different essential reason that influences the overvoltage of 
the load, where if the (t, « 37), a full RVW will be created; V, is obtained by 19 [26]. 


V, =A+T Voc (19) 


According to in (15) and (20), the maximum load voltage will be doubled compared with the inverter peak-to- 
peak voltage, i.e., 2DC-link voltage. If (t, >> 37), the maximum load voltage can be expressed as in (20) [26]. 


Sai: 


vtr 


v, = (£41) Voc (20) 


The variation of the standardized maximum load voltage together with the length of the cable and increase in 
time is illustrated in Figure 6. 


3.2.4. MLFC controlled DC-link voltage power port model 

As illustrated in Figure 7, the MLFC is controlled according to the IG torque requirement, speed 
fluctuations, and IG parameters. The DC-link voltage has no significance in terms of operation and control. 
Moreover, the DC-link power and voltage are not imposed, and hence, they need to be regulated. Therefore, 
the MLFC is connected to the (RL load) system via a controlled rectifier. 

Figure 7 is treated as a black box that exchanges a time-varying power Pext with the MLFC DC-link. 
Therefore, the MLFC system is called a controlled DC-link voltage power port as it enables the exchange of 
power in both directions between the DC-link power source and the RL load. Depending on the operational 
conditions of MLFC, P,,, may be positive or negative in both transient and quasi-stationary states [26]. 

Usually, P.x¢(t) is an external signal that cannot be controlled by the power electronic converter 
system. Hence, to avoid any instability or excursions in the power and consequently, in the DC-link voltage, 
Voc, the regulated power outlet of Figure 7 requires the regulation of Vpc. The power balance and regulation 
are achieved through the use of (21). 


č f C, d 
a VB.) + ici Voc = Poc + > 


Poxt = loxt Voc + 4 ( vc + Pioss (21) 
dt dt 

Where Ppc represents the controlled DC power at the DC-link of MLFC that could be represented by the 

multiplication of the input DC-link current, i,,;with the DC-link voltage Vpc, and Poss is the time rate of 

change in the energy loss at the terminals of the effective capacitor at the DC-link of MFLC. In (21) represents 

the dynamic behavior of the system in which the control input is Ppc, and the state variable may be the square 

value of the DC-link voltage, Vĝc, Poy, and Pioss represent the disturbance signals acting at the input of the 
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wind PS. Therefore, it is preferred to regulate the Ve rather than the voltage itself, Voc [26]. Replacing 
Ppc = P; and after substituting into (21) and rearranging, we get (22). 


avc _ 


“an T Pext — Poss — Pr (22) 


1 
=C 
3 “1 


1000 


10 12 14 16 18 20 2n 


Load voltage (pu) 
Figure 5. Idealized waveforms of the inverter, and Figure 6. The RL load voltages at various cable 
RL load voltages under RWP in the MLFC system lengths and rise times 
2 VSC Systems ee AC 
Bal PB, Controlled DC -voltage power point" p 'C systems 


a2 
v 

ae, 
od 
af 


Third harmonic 
injected PWM 
signal generator 


Toco DC-bus voltage controlled with feedforward 


Figure 7. Block diagram of the regulated DC-link voltage power port 


Where P, is the terminal power of the MLFC AC side. Ve, P,, and Pex with Pioss are the state variable 
and output, the control input and disturbance inputs of the dynamic system represented by (22). Hence, to 
control Ve, one can form the block diagram presented in Figure 7, which consists of an internal control loop 
interlaced inside an outer loop. Vĝc is compared through the external loop with the reference Viccre fy» handles 
errors with the compensator, and submits Ps(;¢) to the internal control loop. The internal control loop is the 
active power control unit that regulates Ps at its reference value Ps(;e¢) as explained in detail in [26]. Hence, Ps 
and Qs are controlled through control signals in the dq frame generated from processing the direct and 
quadrature current components from the AC load system via special compensators. 


4. SIMULATING DFIG-BASED WT WITH RL LOAD AND LONG LENGTH CABLES 

In this paper, the DFIG-based wind PS feeding three-phase isolated RL load through a long cable is 
simulated, analyzed, and studied using Figure 8. The simulation parameters of the IG are given in Table 1. To 
better understand the above-mentioned TL resonance (long cable) and wave reflections, this is facilitated by 
using a computer simulation method, as it is necessary to consider both voltage and current waves. 
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Table 1. Parameters of a DFIG model 


Parameters Symbol Value Parameters Symbol Value 
Stator winding resistance Rs 26.37mQ. The number of poles p 2 
Rotor winding resistance R; 14.14mQ AG nominal frequency Wo 377 rad/s 
Stator winding inductance Ls 7.3073mH Nominal field emf U, 30V 
Stator winding leakage inductance Lso 0.3676mH Initial stator angle a -1.5708° 
Rotor inductance Ly 7.0571mH Initial rotor angle B -1.5708° 
Rotor winding leakage inductance Lro 0.1174mH 


The used switching mode provides control pulses for the voltage source inverter, based on the 
comparison of three reference modified sine waves, with a triangular reference signal to produce needed gate 
signals as described in [24]. These three modified sinusoidal reference waves are shifted concerning each other 
by 120°. The gate control signals are derived from the points of intersection of the sinusoidal and the triangular 
signals. The provided control signals can be used to control static semiconductor switches. "If the control signal 
value is > 0", the main switch is turned on. "If the control signal value is <= 0", the main switch is turned off. 
Instead of maintaining the width of all pulses, the width of each pulse varies proportionally to the rated 
modified sine wave amplitude at the center of the same pulse. 


[GAINI | 


Ust=abs(C1.V)+abs(C2.V)+abs(C3.V) 


RK:=160m 


SUM2_3 KP: =5m SUM2_4 BEGR1 Uer 


Figure 8. Simulation structure of the DFIG-based VSWT feeding RL load through long cable 


The WT driving the DFIG has the following parameters: the turbine IG of inertia is about 2 x 10* kg. m?; 
the rotor radius R = 35m; the number of blades is 3 and the initial WS and position of the turbine rotor at zero 
value. WS is imposed and kept constant at 10m/s. The terminal on the “AC” side of each half of the MLFC 
bridge is connected to one phase of the RL load through a long cable. Thus, the RL load is interfaced with the 
inductors of the cable through three “Rr, = 0.1” resistors, in series with an inductor of “Lr, = 100 uH”. 
The load resistance is “R; = 0.50”, and an inductance “L, = 1mH”. The three-level frequency with a 
capacitive voltage divider allows a bi-directional flow of power from the “DC” side to the load. The capacitance 
of each capacitor on the DC-link C, = Cs = 5uF. 

Figure 9(a) shows, respectively, the voltage and current waveforms of the DFIG with their direct and 
quadrature components. The amplitudes of the terminal line voltages of DFIG are invariable after t = 0.5 s. 
The motive is that the direct component and the quadrature component of the rotor voltage of the DFIG are 
also invariable through the previous time interval. But the amplitude of the torque rises with œ. This is expected 
due to the relation of Vsça) with Vs(,)on w. Figure 9(b) illustrates the phase current waveform of the load and 
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DC-link voltage of Figure 8 when the compensation is not enabled in the DC-link voltage control loop. 
Moreover, initially, the controllers are inactive, and the MLFC gating pulses are produced as explained above. 


Stator phase voltage and current The d-component (pink) and the q-component (green) of the output voltage 
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Figure 9. Simulation results of the VSWT system (a) waveforms of the generator stator and rotor voltages 
with MLFC and (b) waveforms of currents and voltages at both sides of MLFC 


Thus, the DC-link capacitor (C4 and Cs) is gradually charged to about 180 V by the MLFC switches 
units. To restrict the value of the charging current of the DC-link capacitor, and also to cancel large fluctuation 
of the Vp¢, a greater value of this capacitor must be chosen. Also, a well-tuned DC-link voltage controller could 
force Ppc to be negative as illustrated in Figure 10. Figure 10 also illustrates that P, has a small value 
corresponding to Pp¢. However, the DC-link voltage controller may increase P, to maintain a balance of power. 

Figure 10(a) shows the dynamic response and voltage-current waveforms of the DFIG-based VSWT. 
The proposed system in this paper under the effect of using a MLFC instead of a two-level three-phase bridge 
inverter. A comparison between Figures 9 and 10 shows that the deflections of the actual value of Vp¢ from its 
average value are considerably smaller in the proposed system with a MLFC. However, the voltage Vp- system 
has a larger average value generated in the system with MLFC as compared to that with the two-level inverter. 
Also, the difference between the power on the DC-link of the two-level inverter Pp-, and the power, Pout on 
its AC side is very large in preference to the Pp-. Therefore, the DC-link voltage power port of the MLFC 
transfers about 6kW to its corresponding AC side in the inverting mode of operation, while it cannot reach 
more than 4kW of its rated capacity in the inverting mode of operation with the two-level inverter. 

Furthermore, as it is mentioned previously in this paper, the TL does not generate any resonance or 
standing waves of voltages and currents across its corresponding load when it is terminated with an impedance 
that is almost equal to its characteristic impedance. Otherwise, it is said to be resonant with fast reflections of 
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current/voltage waves that cause high harmonics to be generated within the load and thereby in the whole 
system. The illustration indicated in Figure 10b for the three-phase input current of the RL load with the two- 
level inverter shows how a negatively changing sinusoidal-shaped standing waveform is generated upon 
reaching the line’s end at the load. 
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Figure 10. Simulation results (a). Voltage and current waveforms of the generator windings and (b) Real 
power waveform of the DC-link, at the stator side, stator phase current in addition to the dynamic behavior 
of DFIG and the turbine applied torque with such inverter. 


By improving the terminals voltage waveform of the inverter, the present torque ripple in the DFIG 
is reduced, and its performance efficiency is enhanced. However, one of the modulation/control strategies used 
in this paper to generate gating signals for the switches of the three-level MLFC is the sinusoidal PWM 
technique, modified by using a third harmonic injected PWM reference signal. Running this proposed 
simulation illustrates the reflection of the current waves (standing waves). It was seen that using PWM MLFC 
instead of the conventional 2°-level inverter could eliminate this phenomenon. 


5. CONCLUSION 
This study is focused on the design of a control system for a stand-alone DFIG-based VSWT, feeding 
an RL load through a long cable with the ability to use fast-switching modes. Additionally, the results show 
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that with the use of a 3-level MLFC, it is possible to achieve a perfect match between the transmission line 
impedance and the RL load impedance. As a result, no standing waves are generated, and thus no high 
harmonics in the system. Compared with the traditional PWM inverter. 

The simulation results show that the suggested control approach is well-suited to regulating the DFIG- 
based VSWT system, with control objectives met in both smooth and randomly variable turbulent WS. As a 
result, this MLFC-based driving system offers benefits such as lower overall harmonic distortion, higher 
efficiency, lower shunt losses, and a higher output base voltage. Finally, the study looks at how changes in 
wind and rotor speed affect the frequency of the induced rotor voltage and the active power flow. The variation 
of the transmission line parameter affects the mismatch between the load impedance and the characteristic 
impedances of the TL. Such a phenomenon creates standing waves depending on the length of the TL and 
speed of propagation. 

This phenomenon has been studied and verified in Simplorer/MATLAB. The PWM MLFC is 
recommended, according to the simulation findings since it maintains a constant load frequency and controlled 
voltage regardless of load variation and/or wind speed. The fixed load frequency is reached by regulating the 
rotor windings frequency, such that a fixed stator windings frequency is kept fixed at any WT shaft speed. The 
magnitude of the IG terminal voltage is regulated by adjusting the rotor terminal voltage and, thus, current. 
The effectiveness of the proposed modulation MLFC has been verified using a simulation model over a wide 
operating range, including sub and super-synchronous speeds. 
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